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Message Text 

CONFIDENTIAL 

PAGE 01 ATHENS 05080 01 1306Z 
ACTION SY-05 

INFO OCT-01 EUR- 1 2 ISO-OO OC-06 CCO-OO OCL-OO /024W 

011309Z 021951 /45 

R011235Z JUN 77 
FM AMEMBASSY ATHENS 
TO USINT BAGHDAD 
INFO AMCONSUL KARACHI 
SECSTATE WASHDC 899 
RRF WASHDC 

CONFIDENTIAL ATHENS 5080 

STATE FOR OIC/NSU, KARACHI FOR RCO 

E.O. 11652: GDS 

TAGS: ACOM. ASEC NSU 

SUBJECT: CCC POWER INSTALLATION 

REFS (A) BAGHDAD 871 (B) ATHENS 4451 (C) BAGHDAD 783 

1 . HAVE INVESTIGATED SEA SHIPPING CHANNELS AND FIND THE 
JOURNEY TAKES APPROXIMATELY 42 DAYS WITH TWO TRANSSHIPMENTS. 

2. PRESENTLY PLAN TO SHIP GENERATOR (CASE #1) AND 2-3 
ADDITIONAL PIECES O/A 10 JUNE. ADDITIONAL CONEX(S) WILL 
CONTAIN REF B EQUIPMENTS AS WELL AS EXPENDABLE BOM. ALL CASES 
EXCEPT GENERATOR SHOULD BE LEFT UNOPENED UNTIL ATO INSTALLATION 
TEAM ARRIVES ON SITE. SINCE ONLY OUTSIDE STORAGE IS AVAIL- 
ABLE. WOULD REQUEST THAT CONTAINERS BE SET ON BLOCKS OFF OF 
GROUND AND COVERED WITH TARPAULIN OR PLASTIC WRAP. 

3. PER REF A, PARA 3. A WIDE VARIETY OF COLORS OF VINYL 
FLOOR TILE IS AVAILABLE IN ATHENS. ESTIMATED COST IS UNDER 
100 U.S. DOLLARS. PLEASE ADVISE COLOR DESIRED IF PROCUREMENT 
IS REQUESTED. 

CONFIDENTIAL 

CONFIDENTIAL 

PAGE 02 ATHENS 05080 01 1306Z 

4. PER REF A, PARA 3. WHAT "GFE" MATERIAL IS THIS? 

5. PER REF C: ATO ATHENS ONLY NOW RECOGNIZES THE 
SIGNIFICANCE OF PARA 1. INSTALLATION OF THE EMERGENCY CCC 
GENERATOR WITHIN THE MAIN BUILDING WILL CREATE A NUMBER OF 
PROBLEMS: 


Margaret P. Grafeld Declassified/Released US Department of State EO Systematic Review 22 May 2009 



Margaret P. Grafeld Declassified/Released US Department of State EO Systematic Review 22 May 2009 


A. NOISE AND VIBRATION WILL BE TRANSMITTED 
THROUGHOUT THE BUILDING. 

B. EXHAUST FUMES WILL HAVE TO BE CARRIED TO ROOF 
TOP LEVEL THUS CREATING THE POTENTIAL OF EXCESSIVE 
BACK PRESSURES WITHIN THE GENERATORS EXHAUST SYSTEM. 
(EXHAUST STACK WILL HAVE TO COME THRU BUILDING PROPER 
OR AT A MINIMUM THRU THE BALCONY OVERHAND.) 

C. BECAUSE OF LARGE BALCONY OVERHANG, IT IS VERY 
CONCEIVABLE THAT ADEQUATE VENTILATION MAY BE A PROBLEM. 
WHERE WOULD COOLING AIR INTAKE AND EXHAUST PORTS BE 
LOCATED? 

IS IT IMPRACTICLE TO BUILD A SEPARATE HOUSING FOR THE 
GENERATOR ON THE BACK SIDE OF THE COMPOUND? 

6. WHERE WILL THE COMMERCIAL POWER FEEDERS BE 
TERMINATED WITHIN THE BUILDING PROPER? CCC WILL REQUIRE 
380/280 VAC AT 50 KW. POWER COMPANY OR CONTRACTOR SHOULD 
PROVIDE A THREE-PHASE FUSED DISCONNECT SWITCH FOR THIS 
SERVICE. (ATO INSTALLATION TEAM WILL PICK UP COMMERCIAL POWER 
AT THIS POINT.) 

7. PLEASE ADVISE ASAP. 

KUBISCH 


CONFIDENTIAL 


NNN 
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